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NOTE? 

1. FOR LEGEND SEE OWC. |E-l, FOR GENERAL NOTES, ABBREVIATIONS 
AND UCHTtNC FIXTURE SCHEDULE SEE DWG. #E-2, 

2. FOR TYPICAL SUBSTATION STAGE I SEQUENCE OF INSTALLATION SEE DWG. |£-4. 

3. REMOVE ABANDONED FIRE ALARM SYSTEM 3 DEVICE AND/OR CONDUCT SECTION. 

4. RELOCATE EXtSDNC CARD READER AND INSTALL NEW EQUIPMENT. 
EXTEND EXISTING CONOUTT AND WtRWC AS REQUIRED. CONNECT IN 
ACCORDANCE WITH CARD ACCESS SYSTEM DIAGRAM. 

ALL DEVICES FOS CARD ACCESS SYSTEM SHALL BE PROVWO BY AUTHORITY 
AND INSTALLED Or CONTRACTOR. 

CONTRACTOR SHALL FURWSH AND INSTALL ALL THE REQUIRED WKMC FOR THE CARD 
READER SYSTEM AS SHOWN ON DWG. 

CARD ACCESS SYSTEM MUST BE ABLE TO RESPOND AS FOLLOW; (o) STRIKE RELEASE BY DOOR 
PANIC PUSH8AR ACTION, (b) STRIKE RELEASE BY SYSTEM CARD READER AND (e) FORCED 
DOOR ENTRY. ANY FORCED DOOR ENTRY MUST BE ANNUNCIATED Vtt CONTROLLER 
TO SYSTEM PC. 

5. CONNECT NEW CARD READER TO EXIST. CONTROLLER /131 RIM-132 ADDRESS 61. 

6. 2#18 CABLE $HALL BE TEFLON JACKETED 8ELDEN |89740 OR APPROVED EQUAL. 

5#22 CABLE SHALL BE SHIELDED, TEFLON JACKETED BELDEN #89777 OR APPROVED EQUAL 

7. INTERCEPT AND REROUTE EXISTING WIRING SYSTEM TO PROVIDE SPACE FOR NEW 
INSTALLATION. PROVIDE JUNCTION BOX AT ENDS OF CONDUITS THAT REMAIN. INSTALL 
WIRE IN REROUTED CONDUIT SECTION AS SHOWN AND SPLICE TO EXISTING WIRES 

IN JUNCTION BOXES. 


FOR WIRING SEE CARD ACCESS' 
SYSTEM WIRING DIAGRAM THIS DRAWING 
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-SEE NOTE #7 
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SEE NOTE #6 


5#22 & 3-<2#18)-V*"C 
SEE NOTE #6 



f 2(2#t8)-V.TC 
SEE NOTE #6 


5#22-V*"C 
SEE NOTE #6 


SEE NOTE #5 
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